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Programming: 

A side effect of this new supervised keypad causes the programmers display to show "888" 
however the keys are still fully functional. In-order tg use the display on the programmer it will 
be necessary to disconnect the DATA wire (Terminal 10) from the panel. Only remove the 
A I A wire after the programmer is plugged in and reconnect the data wire before removing the 
programmer to prevent the keypad supervision signal from being transmitted. Disabling Keypad 
Supervision in the programming will also prevent the signal from being transmitted, but it will 
have to be enabled again, once finished with system or programming modifications. 

New programming locations - 

• Location 105 = "Keypad Supervision Opt 2" (Default = 1), phone 1 reporting enabled 

• Location 109 = "Keypad Restoral Opt 2" (Default = 0), phone reporting disabled 

• Location 158 now includes "Keypad Supervision Enable" (Default = 4) kevnad 

supervision enabled v 

Other than the listed programming changes, the BHS-2000A & BHS-2000B programming sheets 
are the same. & 6 

Service: 

Keep in mind that if the keypad is removed and the panel is not powered down first, a keypad 
superaston signal will be transmitted to the central station. Always power panel down before 
disconnecting a supervised keypad on a BHS-2000B. 

er 7 ised keypads are bac kwards compatible with the BHS-2000A software. With the 
BHS-2000A, the jumper can be left alone or cut since the BHS-2000A software is not looking 
for the supervision signal from the keypad. However, using a supervised keypad with the 

.supervision jumper left enabled will cause the programmer to display "888", unless the orange 

jumper is cut on the keypad. ° 

• 4 

The non-supervised keypads (BHS-2000A Keypads) ean be used (o substitute or replaee the 
new supervised keypad, if its supervision is disabled (orange jumper cut) or the keypad 

supervision programming has been disabled. - 
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BHS-2000B New Features: 

The BHS-2000B supports one. supervised keypad. Purpose - To be able to meet new UL 1637 
requirements for Medical panic supervision and provide Fire panic supervision in jurisdictions 
that require these triggering devices to be supervised. 

How does Keypad supervision work? 

The new keypads shipped with the BHS-2000B now transmit a signal to the panel that is 
constantly monitored if the keypad supervision is enabled (Default = Enabled). If the keypad 
signal is lost then the panel will report the problem to the monitoring station, cause the siren 
speaker to emit a ticking sound, and if other keypads are installed "CF TROUBLE CALL 
800-445-0872" will be displayed for Console Failure (Keypad Failure). 

Only one keypad can be supervised, so an orange supervision disable jumper is provided on the 
back of the keypad. If more than one keypad is installed and supervision is required, then the 
additional keypads will need to have the orange jumper cut or a non-supervised keypad 
substituted. Assuming the local jurisdiction requires Fire panic supervision, one keypad can be 
set for supervision but any additional keypads will have the orange jumper cut to disable the 
supervision. Masking the unsupervised keypad Fire panics will also be necessary. Depending 
upon your local jurisdiction, supervision may or may not be required. If supervision is not 
required, then no modifications are necessary. 



Not cutting the extra supervised keypad jumpers will cause the supervision to become 
partialy disabled, and will require all the keypads to fail before the panel will set a 
supervisory condition. 
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TECHNICAL BULLETIN 


Date: 

August 11, 1995 

To: 

■ ’ • ■ ■ • j 1 i . • 

> All Technical Managers 
All General Managers 

From: 

Mitchell Christopher 

cc: 

Tony Shaddix 
MikePecaut 
DaveYorkey - 

Subject: 

■i ,, BHS-2000B Introduction 





Brinks Home Security is introducing the BHS-2000B control panel to the field on August 14, 
1995. The BHS-2000B is an updated version of the BHS-2000A, which consists of software 
improvements and the supervised keypad feature. The following details specific technical 
information for the BHS-2000B: 


Software Changes (Based on BHS-2000A, 6/23/94) 

• ' ' * • ' ' ' ’ j-.1v i* ‘ 1 ? , 

1. Standard Bypass - If there is not a standard bypass group programmed, then when a zone is 
bypassed and the system is armed "ALL ON" the display shows "ON MOTION OFF" 
instead. Display now shows "ALL ON". 

> '•' ' ' ‘ : , \ ' *; t ••• • : * ■ . i. • ■ .. ' ,* 

2. CP TROUBLE - Panel sometimes dials out before dial tone. Panel now waits longer for dial 

tone detection before dialing. . - ; (. 

3. Communications - Slow, takes 8.3 seconds on SIA reporting, should only take 5 seconds. 

Panel now communicates in 5 seconds or less. i 

4. Downloading - Panel download sometimes will not sync up. Downloading problem has 
been corrected. 

5. Restore Signal - Transmitted after 3 minutes when a fire or duress signal is transmitted. 
Restore signal is no longer sent after fire or duress. 

6. E/E Door - This bug is caused by the E/E Zone Violation Warning option - bypass one of the 
E/E zones, arm system, open the bypassed E/E zone before the exit time expires, allow the 
exit time to expire, now open the other E/E zone. Instead of entry tone, the alarms sounds 
after a short one second tone. Problem has been corrected, delay will no longer trigger 
instant during delay period. 
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BHS-2000B 

QUICK PROGRAMMING SHEET 
Programming Sheet revised 08-01-95 for panel software 05-24-95 VI 


Enable Quick Programming Enter (1) in Address: 156 0 


Brinks Default Enter (1) in Address: 255 10 


Zone 1-8 Types 



Zone 1 

000 

0 



Zone 2 

004 

0 



Zone 3 

008 

3 



Zone 4 

012 

3 



Zone 5 

016 

2 



Zone 6 

020 

2 



Zone 7 

024 

14 



Zone 8 

028 

14 



Line Cut 

: To 

enable enter 

(4) in address 


068 

14 

Fire Key 



076 

11 

Medical 

Key 


080 

5 

Police Kev 


084 

6 


Zone Expander 9-16 Types 


Zone 9 032 14 
Zone 10 036 14 
Zone 11 040 14 
Zone 12 044 14 
Zone 13 048 14 
Zone 14 052 14 
Zone 15 056 14 
Zone 16 060 14 


Zone Types: 

0 Exit/Entry 

1 Secondary Delay 

2 Instant 

3 Nomad 

4 Day Night 

5 Medical 

6 Assault 

7 Assault Silent 

8 Auxiliary 

9 Hold-Up (Duress) 

10 Nomad Delav 

11 Fire 

12 Local 

14 Non-Existent 


Zone Expander 8 

2000A (PCB) 4- 

No ELOR 2 

Total above Options and 
enter in Address: 159 6 


Master Code: 12 3 4 

Address: 224 225 226 227 


Duress Code: 0 0 0 0 

Address: 228 229 230 231 


Duress Report: o 

To Enable Enter (1) in Address: 075 


Police Alarm Time: J 

1-15 Minutes in Address: 186 

Fire Alarm Time: /5 

1-14 Min, 15 =Cont. in Address: 187 


Openings & Closings: 0 

To Enable Enter (1) in Address. Ill 


Phone 1: 1 8 10 10 0 0 0 0 0 0 0 0 0 0 0 0 

Address: 128 129 130 131 132 133 134 135 136 137 138 139 140 141 142 143 

Account 1: 0 0 0 0 Phone Options: 7 

Address: 144 145 146 147 For Rotary Dial Enter (0) in Address: 149 


Quick Programming automatically configures other programming options 
based on the data entered. This new programming feature will automatically program 
the following details not found on this sheet: 

1) Zone Options 1 

a) En/Disable Trouble - Enables if Fire Zone Type exists 

b) En/Disable Door Chime - Enables for Zone Type 0, I, 2 

c) En/Disable Dialer Delay - Enables for Zone Type 0, 1, 2, 3, 10 

2) Zone Options 2 

a) Enable/Disable Phone Report - Disables if Zone Type 4, 12, 14 

3) Trouble Reporting 

a) Enable/Disable Phone Report - Enables if Fire Zone Type exists 

4) Low Battery Reporting 

a) Enable/Disable Phone Report - Enables if Fire Zone Type exists 

5) Standard Bypass Group 

a) Includes Nomad & Nomad Delay Zone Types 

6) Manual Bypass 

a) Includes all Burg zone types 

b) Excludes 24HR and Non-Existent Zone Types 

7) Openings & Closings 

a) Enables/Disables Open, Close, Part Arm Reporting 

b) Disables Quick Arming 

the Quick P rogramming, plug the programmer in. chance address 
156 to a 1. then use the Quick Programming Sheet for your reference. Once the 
programmer is removed, then the programming rules above will be applied to the 
programming (Allow 10 seconds for the Automatic Programming to take effect). 
The Automatic Programming should be used on all new installs and conversions. If 
there i$ an exception to the programmi ng rules above, plug the programmer back in. 
d a .. 09t change . Address 156, . find use the Detailed Programming Sheet This new 
feature is not recommended for service use, unless starting over and loading the 
Brinks Default. 

NOTE. Alyvayg lQftd Bri nks Default on new installs before programming. Plug 
programmer in, change address 25 5 to a 1, remove programmer, wait 5 seconds, now 
the panel is loaded with the Brinks Default. Plug programmer back in, enable quick 
programming by changing address 156 to a 1, and then begin programming, 


Exit Time: 

0 

5 

Address: 

240 

241 

Entry Time: 

8 

2 

Address: 

242 

243 

Secondary Time: 

0 

0 

Address: 

244 

245 

Seconds: io = 

10 

0 

20 = 

4 

1 

30 = 

14 

1 

40 = 

8 

2 

50 = 

2 

3 

60 = 

12 

3 

70 = 

6 

4 

80 = 

0 

5 

90 = 

10 

5 

100= 

4 

6 

110= 

14 

6 

120= ' 

8 

7 

130= 

2 

8 

140= 

12 

8 

150= 

6 

9 

160= 

0 

10 

170= 

10 

10 

180= 

4 

11 

190= 

14 

11 

200= 

8 

12 

210= 

2 

13 

220= 

12 

13 

230= 

6 

14 

240= 

0 

15 

250= 

10 

15 
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BHS-2000A 

DETAILED PROGRAMMING SHEET 
Programming sheet revised on 07-06-94 for panel software 06-23-94 
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PHONE 1 



Phone 1 - 

-128 

1 

n 

129 

8 

tt 

130 

10 

it 

131 

10 


132 

0 

M 

133 

0 


134 

0 

tt 

135 

0 


136 

0 

N 

137 

0 

” 

138 

0 

" 

139 

0 

" 

140 

0 

" 

141 

0 


142 

0 

M 

143 

0 

ACCOUNT 1 



Account 1-— 

-144 

0 

” 

145 

0 


146 

0 


147 

0 

PHONE OPTIONS 1 


Dialing Attempts 

148 

8 

See PHONE OPTIONS 


See Phone Opt 1 

149 

1 

See Phone Opt 2 

150 

4 

See Phone Opt 3 

151 

6 


PHONE NOTES 

Put "0" in unused locations 
Put "10" for dialing a "0" 

Put "13" for second dial tone 

Put ”14" for dialing 

Put "15" for a 5 second pause 


PHONE 2 



Phone 2- 

-160 

0 

it 

161 

0 


162 

0 

tt 

163 

0 

tt 

164 

0 

it 

165 

0 

•t 

166 

0 

n 

167 

0 

H 

168 

0 

tt 

169 

0 

H 

170 

0 

H 

171 

0 

" 

172 

0 

'* 

173 

0 

’* 

174 

0 

It 

175 

0 

ACCOUNT 2 



Account 2- 

-176 

0 

tt 

177 

0 

H 

178 

0 


179 

0 

PHONE OPTIONS 2 


Dialing Attempts 

180 

0 

See PHONE OPTIONS 


See Phone Opt 1 

181 

0 

See Phone Opt 2 

182 

0 


PANEL OPTIONS 0 - 2 


See Panel Opt 0 
See Panel Opt 1 
See Panel Opt 2 


183 5 

184 0 

185 12 


ACCESS CODES 



Aux 1- 

192 

0 

tt 

193 

0 

•• 

194 

0 


196 

0 

Aux 2-- 

- 196 

0 

" 

197 

0 

it 

198 

0 

tl 

199 

0 

Aux 3 --- 

- 200 

0 

" 

201 

0 

tt 

202 

0 

H 

203 

0 

Aux 4- 

- 204 

0 

" 

205 

0 

it 

206 

0 

« 

207 

0 

Aux 5- 

- 208 

0 

tt 

209 

0 

n 

210 

0 

W 

211 

0 

Aux 6- 

- 212 

0 

" 

213 

0 

it 

214 

0 

fi 

215 

0 

Installer Test- 

-216 

4 

" 

217 

7 

" 

218 

4 

tt 

219 

9 

Special Bypass — 

-220 

0 

" 

221 

0 

It 

222 

0 

H 

223 

0 

Master- 

-224 

1 

tt 

226 

2 

tt 

226 

3 

H 

227 

4 

Duress- 

- 228 

0 

tt 

229 

0 

M 

230 

0 

It 

231 

0 

Download Answer 

-232 

1 

it 

233 

10 

tt 

234 

10 

M 

235 

10 


DEFAULT PROGRAMMING 
Not to be changed 254 10 
Frozen LOAD 256 10 
01 » Brinks Default 


PHONE OPTIONS 1 

(149) 

Dialer Disable 

8 

DTMF Dialing 

1 


PHONE OPTIONS 2 

(150) 

SIA Format 

4 

PHONE OPTIONS 3 

(151) 

Ans Mach Bypass 

4 


Voice Mail Bypass 

2 



PANEL OPTIONS 0 (183) 

False Aim Prev 8 
Force Nomad 4 
Strobe Latch 1 
PANEL OPTIONS 1 (184) 

Bypass After DL 8 
Pwr Up Arm Aft DL 2 
Silent Burg Alarm 1 
PANEL OPTIONS 2 (185) 

Quick Arm Enable 8 
Defer Test Mess 4 
Abort Enable 2 
Phone 2 Backup 1 
PANEL OPTIONS 3 (156) 

Pgm Mast Code 8 
Siren Exit Tick En 4 
Dialer Delay Warn 2 
Auto Programming 1 
PANEL OPTIONS 4 (157) 

3 Digit Code 8 

Wrap Around Code 4 
E/E Violation Warn 1 
PANEL OPTIONS 5 (158) 

Kevpaa Sud En 4 

Call Brinks Icon 2 

Kill Panel 1 

PANEL OPTIONS 6 (159) 

Zone Expander 8 

BHS-2000 PCB 4 

No ELOR 2 

Keypad Exit Tone 1 


DELAY OPTIONS 

RESTORAL TIME SIREN ALARM TIME 

Restoral Timer 152 5 Burg Aim Time Out 186 5 

Do Not Program 153 - Fire Aim Time Out 187 IS 


BYPASS ZONE OPTIONS 
[8J,[1J Manual Bypass Enabla 
See Table 1 154 IS 

See Table 2 155 7 


[#].[6] Standard Bypass En. 
See Table 1 188 12 

See Table 2 189 0 

Special Bypass Zona Enable 
See Table 1 190 0 

See Table 2 191 0 


DELAYTIMES 
Ring Count (Xxl)+ 236 0 
Ring Count (Xxl 6) 237 1 
Ring Time (Xxl)+ 238 2 

Ring Time (Xx16) 239 0 

Exit Time (Xxl)+ 240 0 

Exit Time (Xxl 6) 241 5 

Entry Time (Xxl)+ 242 8 
Entry Time (Xxl6) 243 2 

Sec En Time (Xxl)+ 244 0 
Sec En Time (Xxl 6) 245 0 

Dialer Delay (Xxl)+ 246 4 
Dialer Delay (Xxl6) 247 1 

AC Loss Dly (Xxl)+ 248 0 
AC Loss Dly (Xxl 6) 249 0 

Test Meslnt (Xxl)+ 250 6 
Test Mes Int (Xx16) 251 11 
Test Offset (Xxl)+ 252 0 
Test Offset (Xxl 6) 253 0 


DELAY TIME RANGES 
Burg Aim Time Out 0-15 Min 
Fire Aim Time Out 1-14 Min 


Fire Atm Continuous 

-15 

Exit Time 

0-255 Sec 

Entry Time 

0-255 Sec 

Second Entry Time 

0-255 Sec 

Dialer Delay 

0-255 Sec 

AC Loss Delay 

0-255 Min 

Test Mess Interval 

0-255 Days 

TIME ENCODING TABLE 

Tlmt - (Xxl) ♦ 

(Xxl 8) 

0 - 0 

0 

10 - 10 

0 

20 - 4 

1 

30 - 14 

i 

40 - 8 

2 

50 « 2 

3 

00 - 12 

3 

70 - 6 

4 

80 - 0 

5 

90 - 10 

5 

100- 4 

8 

110- 14 

8 

120 * 8 

7 

180- 4 

11 

240- 0 

15 

255- 15 

15 


Table 2 

Zone 8 Enable 8 

Zone 7 Enable 4 

Zone 6 Enable 2 

Zone 5 Enable 1 


PANEL OPTIONS 

3-6 


See Panel Opt 3 

156 

0 

See Panel Opt 4 

157 

13 

See Panel Opt 5 

158 

4 

See Panel Opt 6 

159 

6 


Table 1 

Zone 4 Enable 8 

Zone 3 Enable 4 

Zone 2 Enable 2 

Zone 1 Enable 1 
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